TRANSF. |UPS-75A 
25 KVA. 1# 
208-240/1 20V, 


■PANEL E-75A IN EMERG. 
208/1 20V AC V PCWR TRANSF, RM. SEE 
aw/izuv. «, / DWG. |E-93. E-94, & E-95 



SEE NOTE #3 DWG. #E-2 


-MAINTENANCE 
BT- PASS 


SUBSTATION SS-7fiq 


SUBSTATION SS-7.S«? 


TYPICAL ONE LINE DIAGRAM 


SWITCIiCEAR 
SEE KOTE #3 DWG. #E-2 


CE 1 
HV-B4 i 


as 

N-4 


TERUaWL 

BLOCK 

(TYPtCAL)- 


HV-83 ; 


- S-2 \ 

^ s _ 1f >SEE NOTE 


D 


pig 

N-3 



SUBSTATIONS SS-75N & SS-75S SHOW 
(OTHER SUBSTATIONS SIMILAR) 


r- CB-RI 

\ SEE DIAG. "A* 


U.P.S, CONTROL POWER 

*l80VE 


JUNCTION BOX 
(TYPICAL) 


SWITCKCEAR 
SEE NOTE #3 DWG. #E-2 


SCAD A COMMUNICATIONS WIRING DIAGRAM 

TYPICAL FOR EACH SUBSTATION 



CND. PAD' 


FUTURE WIRING 


5O0MCM GNO. 


J 


lr3 OR £id 
tyQUy 500 KVA TRANST,. 
**frt (SUBSTATION GRADE) 
480-208/1 20V 
3». Z-5.75% 



») (3) (3) 


480-1 20V 


160QA s £&zLJ 
1600A J OR 

ca-R; 


GNO. BUS 



SHE 


2000-5A 

1600A BUS (CU) 


Ik 


■CND. PAD 


120V. A.C. 


FROM UPS 


J1QIL 


1. - FOR LEGEND SEE DWO. #E-1. 

2. - FOR GENERAL NOTES AND 

ABBREVIATIONS SEE DWG. #E-2. 



TO BE INSTALLED 
WITH NORMAL AND 
BY-PASS SWITCH IN 
STAGE H & REMOVED 
IN STAGE EC 


500 KVA TRANSF. 
480-208/1 20V. 
INSTALLED IN 
STAGE IE (SEE 
DIAGRAM "At) 


PART PLAN - 75th FLOOR (SS-75N) 


E-CP-75N 
CP-75S-BP 



•NORMAL 
■BY-PASS 


LOW VOLTAGE 
SWITCH GEAR - 


PTV 

BSE ' 


Da 


1600A CKT. BKR 
(SEE NOTE) 


X 


SECTION U-U 

N.T.S. 


2000A. BUSWAY 
TRANSITION SECTION 


/ 


r4 


-leOOA. BUS (CU) 


CABLE 4-500MCM 
PER PHASE & KEUT 


-5QG 
(SUf 


KVA TfWSF. 


SUBSTATION GRADE) 


FL 


-CB-13 
SEE DIAG. "A" 


NOTES 

SCADA COMMUNICATION WIRING SHALL BE 
22 GAUGE SHIELDED TWISTED PAR 
BELDEN #8761 OR APPROVED EQUAL 


2000A. BUSWAY 


DIAGRAM "A* 

(TYPICAL) 


STtTUTING A RARTOf rS^F ^WNGS CQN- 
THE PARTIES. CONTRACT WAS EXECUTED 6Y 


SIDE VIEW 

500 KVA TRANSFORMER AND 
SECONDARY CtRCf'fT BREWCOt 
(TYPICAL) 


DATE 



ENGINEER Of OESKJN 


NOTES 

CIRCUIT BREAKER SHALL BE 1600A. . 3 POLE. 600 VOLT 
WITH 1600A. CURRENT SENSOR. BREAKERSHALt^ 

SL^JS^J^ ClROJ>1 BREAKER WITH MICRO 
VERSA TRIP, CAT. #TP1616TT Oft APF. ;2YED EQUAL? 
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TOWER ONE AND TWO 
LOW VOLTAGE 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION ^ , 

ELECTRICAL 

TYPICAL SUBSTATION 
STAGE IE AND HI 
CONTROL DIAGRAM 
" & DETAILS- . , 
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AH Inventors, kJ»o«. du^nt and meUvxfa 
rwre«n ore reserved to Port Authority end 
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